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1. FOR LEGEND. ABBREVIATIONS it 
GENERAL NOTES, SEE DWG 6-1. 

2. INSTALL NTC AND XNET CABINETS, 

;■■ ; CONDUtTS.- ASfSI^.;^;;:^ 

3. DISCONNECT AND PUa OUT 28 PAIRS OF CABLES 
FROM NTC-M AT 7th FLOOR FA CLOSET TO PULL 
BOX '8* . VtA CONDUIT "B2* 

4. DISCONNECT AND REMOVE 14 PAIRS OF CABLES 
FROM NTC-S8 AT 9th FLOOR FA CLOSET, TO PULL 
BOX "B*. AT 7th FLOOR. VIA CONDUIT "B1" 

5. INSTALL 28 PAIRS OF CABLE FROM NTC-X5 ON 9th FLOOR 
MER TO PULL BOX "C\ VIA CONDUIT '82* 

6. INSTALL 14 PAIRS OF CABLE FROM PULL BOX "C" ON 9th 
FLOOR TO NTC-S8 AT 9th FLOOR FA CLOSET, VIA CONDUIT 
"B1*. 

7. INSTALL 14 PAIRS OF CABLE FROM PULL BOX "C ON 9th 
FLOOR TO PULL BOX "B" ON 7th FLOOR. VIA CONDUIT B1. 

8. INSTALL 28 PAIRS OF CABLE FROM PULL BOX "B" ON 7th 
FLOOR TO NTC-M AT 7th FLOOR FA CLOSET. VIA CONDUIT 
"82*, AND RECONNECT TO SAME TERMINALS. 

9. DISCONNECT AND REMOVE 5 PAIRS OF CABLE FROM NTC-S8 
AT 9th FLOOR FA CLOSET TO NTC-F, VIA CONDUIT "C2\ 

10. INSTALL 6 PAIRS OF CABLE FROM NTC-S8 CN 9th FLOOR 
FA CLOSET TO NTC-F, VIA CONDUIT "C2" 

11. DISCONNECT AND PULL OUT 28 PAIRS OF CABLE 
VIA CONDUIT "B2-1" FROM NTC-12 ON B1 LEVEL 
FA CLOSET TO PULL BOX "A". 

12. REINSTALL 14 PAIRS OF CABLE. THAT ARE LABELED UP, 
IN CONDUIT "B1" FROM PULL BOX "A" TO NTC-13. 

13. REINSTALL 14 PAIRS OF CABLE, THAT ARE LABELEO DOWN, 
BACK FROM PULL BOX "A" TO NTC-12 VIA CONDUIT "82-1 . 

14. INSTALL 4 PAIRS OF CABLE FROM NTC- 1 AT Bl LEVEL FA 
CLOSET TO NTC-12, VIA EXISTING CONDUIT "CT (LEAVE 
EXISTING 2 PAIRS OF CABLE IN "C2">. THERE IS TOTAL 
OF 6 PAIRS IN CONDUIT "C2\ 

15. DISCONNECTION AND FINAL CONNECTION OF CABLES SHALL BE 
MADE BY CONTRACTOR IN THE PRESENCE OF THE ENGINEER. 

1 HEREBY CCnTIFVTHATTHIS IS AT™* AND 
CORRECT COPY OF ONE OF TOE CONTRACT 
DRAWINGS CONSTITUTING A PART OF 

EXISTED AT THE TIME THE SAID COMTRACT 
WAS EXECUTED BY T^PARnES. 
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